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under the influence of oil, prevents its employment in such
machinery.
In many cases the thin rubber film is merely solutioned to the
canvas. If vulcanised to the canvas it would be better, but for
the fact that rubber oxidises so rapidly, and to make the tape
cheap it is "gorged" with impurities to such an extent that
under no conditions would it be a suitable material for armature
or transformer coils.
Holitscher's results for the disruptive strength of Para rubber
tape are given in the curves of fig. HOB.1
E.T.Z., February 27, 1902, p. 171.